
50 NORTH PLAN 


DISCONNECT * REMOVE EXISTING 

BREAKERS. (SEE BUSWAY SWITCH 
REPLACEMENT SCHEDULE. THIS 
CWG). TURN OVER PLUG M FUSED 
SWITCHES TO THE PORT AUTHORITY, 


TO EXISTING UGHTfNG PANEL 


SPECIAL OFFSET 
CABLE TAP 
BOX tN HUNG 
CEILING AREA 
TYPE '0* 


CQUNG 
CONSTRUCTION 

SHEETROCK 


EXISTING 
DOOR 



EXISTING BUSWAY 
TO REMAIN (TYP) 

TRANSITION BOX. 

2000A COPPER BUSWAY. SEE 
GEN. NOTE #7, OWG. E-1. 

REMOVE EXISTING 1600A 
ALUMINUM BUSWAY. 
SEE GENERAL NOTE #13 
& 14 DWG E-1. 


SEE GENERAL NOTE #9. 
OWG E-1. 
51st FLOOR 

CAP BUSWAY 

1600A. 480/277V 
ALUMINUM, PAIRED PHASE 
BUSWAY TO MATCH EXISTING 
FEDERAL PACIFIC BUSWAY. 


REMOVE 1 EXISTING PLUG IN SWITCH 
FROM EXSmB BUSWAY * REINSTALL 


AFTER INSTALLATION OF 
BUSWAY. REPLACE EXISTING PANEL 
FEEDER AS REQUIRED. 

50th FLOOR 


50th FLOOR SECTION A-A 
& PART RISER 


SEE USER DWC E-9 ft 
OWG £-3 FOR CONTINUATION 

EXtSTMG LIGHTING PANEL 

DOWN TO CIRCUIT 
BREAKER #51-1 

2Q0QA COPPER 
BUSftW. SEE 
GEN. NOTE #7. 
DWG E-1. 

414/0 TO BUILDING 
RISER 

EXISTING CONDENSOR 
WATER PIPING TO 
REMAIN 

REMOVE AND REINSTALL EXtSTMG 
AS SHOWN. 
DRAWMGS 


HEAD TO REMAIN 


1. SEE DRAWING E-1 FOR GENERAL NOTES AND BUSWAY SCHEDULE. 
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